I 


lCu*v£\T LQCAIED « 
jw.maRy SmTCKtAR ROO** 


EOuJfw£\i LOCATED in 
CENTRA!. RETRfiESU'iC** 


POtR CENTER No. 5 


SEE KOTE-3 


A 



ExtSTWC MEDIUM VOVTACE MOTOR STARTERS 
400A, 3 POLE NON-REVERSWG 


TRANSFORMER 
tSOOKVA 

480V - 2400V. 60HZ 
SEE NOTES 1 k 2 


DISCONNECT SWITCH 
460V, 400OA, 3 POLE 


SEE NOTE-3 



POWER CENTER 
•EPC" 

(264 LEVEL - 1WTC) 


MOTES: 

1. REMOVE AND ClSPOSE EXETtNC ORT TYPE JCOXVA TRANSFORMER AND INSTALL A NEW 1SOOKVA VANSFORMER 

w ns locahcw as sucm A 

2. CONNEXCT K£W 1500KVA TRANSFORMER TO EXGTtNC MEDIUM VOLTAGE MOTOR STARTERS. ^ 

3. REMOVE E50STWC CABLE FROM CONDUITS KOCTEO. 

4. REMOVE. RELOCATE AW) REINSTALL EXISTING UCKTWC. SMOKE DETECTORS 10 CLEAR KtW CONDUIT OR 
EQWPMWr B*STALLAT10»I. 



MAM EMERGENCY SWITCHBOARD 


EQUIPMENT located in 
CENERATOR PLANT 


ENCY SWITCHBOARD 



6-rCOMXMTS EACH WITH 3-300MCU * t#2 CND. 


CONNECT FEEDER TO EOSTB+5 SPARE 2500A, 3 POLE 
ORCKIT BREAKER 


L 


Ese-A 


oasrwc SKV, COCK 3P 
AUTOMATIC TRANSFER 
SWITCH (TVPCAL OF 2) 


REMOVE OQSTMC LOCKOUT INTERLOCK H-1T" 
WTTH PUMP CONTROLLER 

* t 


ONE LINE DIAGRAM 
WATER RIVER PUMP MODIFICATIONS 


MOT TO SCALE 


REMOVE EXISTING CONDUITS AND 
CORE DOU. S* DIAMETER HOLES 
FOR S CONOUfTS 


DOWN TO MECHANICAL ROOM . 
BELOW. SEE ORAWWC E1-02 A 
FOR CONTtNUATWH. 


S -4" CONDUITS EACH WITH 3-S00MCM ft 1#2 CNO. 


3-500MCU * IfJ CRO, 4t 
3-300WCM It If 2 CRO. 4-C 



TRANSFORMER 
ISOOKVA 

480V - 2400V, COHZ 


DISCONNECT SWITCH 
460V, 4000A, 3P0LE 


EJOSnWC UCHTWC FTXTURES 
SEE NOTE-4 


EXtSITWC MEDIUM VOLTAC: 
MOTOR STARTERS 


PLAN 


- POWER CENTER 'EPC ROOM 
ELEV. 264 LEVEL 1 WTC 
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ORKXIAL SIGNED & SEALEO BY 
N.Y. P.E. (OR RA.) 


consultlns engineers 
One Pcmsyf/aife Pbza 

New Yofc New Yale IHS-0045 
T«t OtS 543-7400, Fuc 013 563-73*2 


DUD 

Bixrr 

LBBOWTZ 
PC 


a^^ImnlinVw ymc hi- «m 


LESLE E ROBERTSON 
ASSOCIATES, RLLP. 

CCMUM aTRKMN. MMBN 










A 

>2/3l/« 

ADO. PT. PIN. 
EXIST. COM). 



12/32/97 

rfOOffY REFERENCES 
& ADD NOTE 



11/17/97 

tssuco FOR eo 



C^epa^tIr^ent. , 



STANDBY POWER 
5 WORLD TRADE CENTER 

ELECTRICAL 

RIVER WATER 

PUMP 
MODIFICATIONS 


This dfe*5»9 subject to co«cStion» twiwt 
Ml inventions, Kfto». eloigns unci n-^hods 
tiered o'« rewivw to Port Authority cr»<J 
noy nai M used wSfioo; a - s »<^t«> consent 


F.FJ> 


O.M. 


Owe* by 


Dote So5< 
1I/I7/4J AS SHOWN 

WTC- 946.071 E1-07 


